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To ail whon ié niay concern: 

Be it known that I, NrkoLa Tesra, from 
Smiljan Lika, bordercountry of Austria-Hun- 
gary,now residing at New York, in the county 
and State of New York, have invented certain 
new and usefal Improvements in Systems of 
Electrical Distribution, of which the following 
is a specification, reference being had to the 
drawings accompanying and forming a part of 
the same. - 

This invention relates to those systems of 
electrical distribution in which a current from 
a single source of supply in a main or trans- 
Witting cirenit is caused to induce by means 
of suitable induction apparatus a current or 
currents in an independent working circuit or 
circuits. . 

The main objects of the invention are the 
same as have been heretofore obtained by the 
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rent from a single source,whereby a number 
of lamps, motors, or other translating devices 

- may be independently controlled and operated 
by the same source of current,and in some 
cases to-reduce a current of high potential in 
the main circuit to one of greater quantity and 
lower potential in the independent consump- 
tion or working cirenit or circuits. 

The general character of the devices em- 
ployed in these systems is now well under- 
stood. An alternating-current magneto-ma- 
chineja used as thesource ofsupply. The cur- 
rent developed thereby is conducted through 
a transmission-circuit to one or more distant 
35 points at which the transformers are located. 

These consist of induction-machines of various 
kinds. Insome cases ordinary forms of indue- 
tion-coil have been used with one coil in the 
transmitting-circuit and the other in a local 

40 or consumption circuit, the coils being differ: 
ently proportioned according to the work to 
be done in the consumption-circuit—that is 
to say, if the work requires a current of higher 
potential than that in the transmission circuit 

4§ the secondary or induced coil is of greater 
length and resistance than the primary, while, 
on the other hand,if a quantity current of 
lower potential is wanted the longer coil is 
made the primary. In lieu of these devices 
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use of these systems—viz., to divide the'cur- |. 


various forms of electro-dynamic induction- 50 
machines, including the combined motorsand — 
generators, have been devised. For instance, 

a motor is constructed in accordance with well- 
understood principles, and on the same arma- 
tureare wound induced coils which constitute ,5 
a generator. The motor-coils are generally of 
fine wire and the generator-coils of coarser 
wire, so as to produce ao current of greater © 
quantity and lower potential than the line-cur- 
rent, which is of relatively high. potential, to 6c 
avoid loss in long transmission. . A similar ar- 
rangement is to wind coils corresponding to - 
those described in a ring or similar core, and 


by means of a commutator of suitable kind to 


direct the current through the inducing-coils 65 
successively, so as to maintain a movement of 
the poles of the core and of the lines of force 
which set up the currents in the induced coils. 

Without enumerating the objections to these 
systems in detail, it will suffice tosay that the 70 
theory or the principle of the action or opera- 
tion of these devices has apparently been so 
little understood that their proper construc- 
tion and use bave up to the present time been 
attended with various difficulties and great 75 
expense. The transformers are very liable to 
be injured and burned out, and the means re- 
sorted to for curing this and other defects 
have almost invariably been at the expense of 
efficiency. 

The form of converter or transformer which 
I have devised appears to be largely free from 
the defects and objections to which I have al- 
luded. While I do not herein advance any 
theory as to its mode of operation, I would 85 
state that, in so faras the principal of con- 
struction js coucerned, it is analogous to those 
transformers which I have above described as 
electro- dynamic induction - machines, except 
that it involves no moving parts whatever,and oc 
is hence not liable to wear or other derarge: 
ment, and requires no more attention than the 
other and more common induction-machines. 

In carrying out my invention I provide 4 
series of inducing-coils and corresponding in- g5 
duced coils, which, by preference, I wind upon 
a core closed upon itself—snach asan annulus or 
ring subdivided in the usual manner. The 
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‘Jations to one another and to the core. 
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two sets of coils are wound side by side or su- 


perposed or otherwise placed in well-known | as, for example, 


ways to bring them into the most paesnat 

le 
inducing or primary coils wound on the core 
are divided into pairs or sects by the proper 
electrical connections, so that while the coils of 
one pair or set to co-operate iu fixing the mag: 
netic poles of the core at two given diametric- 
ally-opposite points, the coils of the other pair 
or set—assuming, for sake of illustration, that 
there are but two—tend to fix the poles ninety 
degrees from sach points. With this induc- 
tion device I use an alternating-current gen- 
erator with coils or sets of coils to correspond 
with those of the converter, and by means of 
suitable conductors I connectup in independ- 
ent circuits the corresponding coils of the gen- 
erator and converter. I results from this 
that the different electrical phases in the gen- 
crator are attended by corresponding mag- 
netic changes in the converter; or,in other 
words, that as the generator-coils revolve the 
points of greatest magnetic intensity in the 
converter will be progressively shifted or 
whirled around. This principle 1 have ap- 
plied under variously-modified conditions to 
the operation of electro-magnetic motors, and 


_ jn previous applications, notably in those hav- 
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ing Serial Nos. 252,132 and 256,561, I have de- 
scribed in dctail the manner of constructing 
aud using such motors. Inthe present appli- 
cation my object is to describe the best and 
most convenient manner of which Iam at pres- 
ent aware of carrying ont the invention as ap- 
plied to a system of electrical distribution; 
but one skilled in the art will readily under- 
stand from the description by the modifica- 
tious proposed in said applications, wherein 
the form of both the generator and converter 
in the present case may be modified. 

In illustration therefore of the details of 
construction which my present invention in- 
volves, [ now refer to the accompanying draw- 
ings. 

Figure 1is a diagrammatic illustration of 
the converter and the electrical connections of 
the same. Fig. 2 is a horizontal central eross- 
section of Fig.1. Fig.3is a diagram of the cir- 
cuits of the entire system, the generator being 
shownin section. — 

[useacore, A, which is closed upon itself— 
that is to say, of an annular cylindrical or 
equivalent form--and as the efficiency of the 
apparatus is largely increased by the subdi- 
vision of this core I make it of thin strips, 
plates, or wires of soft iron electrically insu- 
lated as far a3 practicable. Upon this core, 
by any well-known method, I wind, say, four 
coils, B B B’ B’, which J use as primary coils, 
aud for which I use long lengths of compara- 
tively fine wire. Over these coils I then wind 
shorter coils of coarser wire, C C C’ C’, to con- 
stitute the induced or secondary coils. The 
construction of this or any equivalent form of 
converter may be carried further, as above 





pointed out, by inclosiug these coils with iron— 
by winding over the coils a 
layer or layers of insulated iron wire. 


The device is provided with suitable bind- 70 


ing-posts, to which the ends of the coils are 
led. The diametrically-opposite coils BB and 
B’ B’are connected, respectively, in series, and 
the four terminals are connected to the bind- 
ing-posts 1 2 3 4. 
nected together in any desired manner. For 
example, as shown iu Fig. 3, O C may becon 
nected in multiple arc when a quantity cur- 
rent is desired—as for running & group of in- 
candescent lamps, D—while C’ C’ may be in- 
dependently connected in series in a circuit 
including arc lamps or the like. The gener- 
ator in this system will beadapted to the con- 


The induced coils are con- 75 
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verter iu the manner illustrated. Jfor exam- — 


ple, in the present case I employ a pair of or- 
dinary permanent or electro magnets, EE, 
between which is mounted a cylindrical arma- 
ture on a shaft, F, and wound with two coils, 
GG’. The terminals of these coils are con- 
nected, respectively, to four insulated contact 
or collecting rings, H H H’ H’, and the four 
line circuit-wires L connect the brashes K, 
bearing on these rings, to the converter in the 
ordershown. Noting the results of this com- 
bination, it will ‘be observed that at a given 
point of time the coil G is in its neutral posi- 
tion and is generating little or no current, while 
the other coil, G’, isin 2 position where it ex- 
erts its maximum effect. Assuming coil Gto 
be connected in circuit with coils B B of the 
converter, and coil G’ with coils B’ B’, it is 
evident that the polesof the ring A will be 
determined by coils B’ B’ alone; but as the 
armature of the generator revolves, coil G de- 
delops more current and coil G’ less, until G 
reaches its maximum and G’ its neutral posi- 
tion. The obvions result will be to shift the 
poles of the ring A through one-quarter of 
its periphery. The movement of the coils 
through the next quarter of a turn, during 
which coil G’ enters a field of opposite po- 
larity and generates a current of opposite 
direction aud increasing strength, while coil 
G, in passing from its maximum to its neu- 
tral position generates a current of decreas- 
ing strength and same direction as before, 
causes a further shifting of the poles through 
the second quarter of the ring. The sec- 
ond half-revolation will obviously be a repe- 
tition of the same action. By the shifting of 
the poles of the ring Aa powerful dynamic 
inductive effect on the coils C O’ is produced. 
Besides the currents generated in the second- 
ary coils by dynamo-magnetic induction other 
currents will beset up in the same coils in con- 
sequence of any variations in the intensity of 
the poles in thering A. Thisshould be avoided 
by maintaining the intensity of the poles con- 
stant, to accomplish which care should be 
taken in designing and proportioning the gen- 
erator and in distributing the coils in the ring 
A and balancing their effect. When this is 
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done, the currents are produced by dynamo- 
magnetic induction only, the same result be- 
_ Ing obtained as though the poles were shifted 
by a commutator with an infinite number of 
5 5epments, ae 
The modifications which are applicable to 
other forms of converter are in many respects 
applicable to this. I refer more particularly 
to the form of the core, the relative lengths 
to and resistances of the primary and secondary 
coils, and the arrangements for running or op- 
‘erating the same. 
' he new method of electrical conversion 
which this system involves I have nade the 
15 subject of another application, and I do not 
claim it therefore herein. 
‘Without limiting myself therefore to any 
specific form, what I claim is— 


1. The combination, with a core closed upon: 


20 itself, inducing or primary coils wound thereon 
and connected up in independent pairs or sets, 
and induced or secondary coils wound upon 
or near the primary coils, of a generator of 

. alternating currents and independent connec- 

25 tions to the primary coils, whereby by the op- 
eration of the generator a progressive shifting 


of the poles of the core is effected, as set: forth.-| 


2. Thecombination, with an annular orsimi- 
lar magnetic core and primary and secondary 
coils wound thereon, of an alternating-cur- 30 
rent generator having induced or armature 
coils corresponding to the primary coils, and 
independent circuits connecting the primary 
coils with the corresponding coils of the gen- 
erator, as herein set forth. 35 

8. The combination, with independent elec- 
tric transmission-circuits, of transformers con- 
sisting of annular or similar cores wound with 
primary and secondary coils, the opposite pri- 
mary coils of each transformer being connected: 40 
to one of the transmission-circuits, an alter- 


-nating-current generator with independent in- 
{| duced or armature coils connected with the 
‘transmission-circuits, whereby alternating car-: 


reuts may bo directed through the primary 45 
coils of the transformers in the order and man- 
ner herein described. 


NIKOLA TESLA. 


Witnesses: 
Rost. H. Dunoay, 
' Rogwr. F. GAYLORD. 


(No Model.) - ae 2 Sheets—Sheet 1. ° 
| N. TESLA. | | 
SYSTEM OF ELECTRICAL DISTRIBUTION, - 


No. 381,970. : Patented May 1, 1888. 
7 | 


A 





z ee ‘ Feta 


a 
es) 
+ a, 


" 
mt 
4 
aM . 
Pp ——_ re 
ms! 
r —T Ti ime 
rt ro 1, 
aera 
‘ + 
in 


om Oe Be 


nee" 
eee at 
En 







., SG t bs Si a : mY AN \, oy 
BTS lA 4 LASTS 


A el denennerw he | ee ame 


Oe oe le ee ee a el eee aoe aw aw ars | f7 


INVENTOR. 


etl. Color he | Piacan, Castes Mags 
a OO - * ATTORNEYS. 


(No Model.). a 2 Sheets—Sheet 2. 
3 N. TESLA. 3 
SYSTEM OF ELECTRIOAL DISTRIBUTION. 


No, 381,970. 2 Patented May 1, 1888. 






INVENTOR. 


EL | Hikata Leslee. 


‘Dias aed, Likes ¥f422, 
: g ATTORNEYS. 


WITNE: SSE 8: 


LAFF. $ Bylok. 


